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slip which has not been exposed to the gas. The gas is to be
taken as exhibiting a trace of sulphuretted hydrogen if the slip of
paper which has been exposed to it is unmistakably the darker
of the two.

In this event two of the test-slips which have been exposed to
the gas shall be placed in a stoppered bottle and kept in the dark
at the testing place; one of the remaining slips shall be forwarded
with each daily Report (Appendix O), and the comparison slip
shall be retained by the Gas Examiner for the use of the Chief
Gas Examiner.

The Gas Examiner in making his return shall write either
" present" or " absent" as the case may be.

As to the
MODE OF TESTING FOR SULPHUR COMPOUNDS OTHER THAN
SULPHURETTED HYDROGEN.
This testing shall be made on such days as the Controlling
Authority shall direct. A description of the apparatus to be em-
ployed is given in Appendix K. It is to be set up in a room or
closet where no other gas is burning. The gas shall pass through
a meter by reference to which the rate of flow can be adjusted,
and which is provided with a self-acting movement for shutting
off the gas when ten cubic feet have passed.
Pieces of sesqui-carbonate of ammonia, from the surface of
which any efflorescence has been removed, are to be placed round
the stem of the burner. The index of the meter is to be then
turned forward to the point at which the catch falls and will again
support the lever-tap in the horizontal position. The lever is made
to rest against the catch so as to turn on the gas. The index is
turned back to a little short of zero, and the burner lighted. When
the index is close to zero the trumpet-tube is placed in position on
the stand and its narrow end connected with the tubulure of the
condenser. At the same time the long chimney-tube is attached
to the top of the condenser.
As soon as the testing has been started, a first reading of the
Aerorthometer is to be made and recorded, and a second reading
as near as may be to the time at which the gas is shut off. The
rate of burning, which with practice can be judged very nearly by
the height of the flame, is to be adjusted, by timing the index of
the meter, to about half a cubic foot of gas per. hour.
After each testing, the flask or beaker, which has received the
liquid products of the combustion of the ten cubic feet of gas,
is to be emptied into a measuring cylinder and then replaced to